LEGEND 


HV-fll 

— 

PS.-J 


<ooc* 


C4I 


Oft 


[UPS j 


OR 


HEAVY UNE INDICATES WORK TO BE DONE 
UCHT LINE INDICATES EXJSTVW TO REMAIN 

MEDIUM VOLTAGE (13.8KV) VACUUM 
OftCWr BREAKER. ORAWOUT TYPE 1200*. 


TRANSFOPUER. DRY TYPE, FAN COOLED. 
2000/2 657/332 5KYA. 3# 13.8KV- 480/27 7V 


♦000 AMP. ELECTRICALLY OPERATED MAIN OR 
TIE AIR OftCUfT BREAKER. ORAWOUT TYPE WITH 
ORAWOUT FUSE TRUCK. FUSE SIZE AS SHOWN 
ON CRA W1SCS. (BKR d FUSE COMPARTMENTS 
W SAME VERTICAL SECTION) 


ELECTRICALLY OPERATED AIR ©ROUT BREAKER. 
ORAWOUT TYPE WITH INTEGRALLY MOUNTED 
FUSES. SIZE AS SHOWN ON DRAWINGS, 


CROUNO AND TEST DEVICE. 13.8KV 


EXISTING CIRCUIT BREAKER. ORAWOUT TYPE. I3.8KV 
MEDIUM VOLTAGE- LOCATED AT THE EXISTING POWER 
DISTRIBUTION CENTER (PDC) 


LIGHTNING ARRESTOR 
WRK KEY INTERLOCK 
ISOLATING BUS LINK. 

AUTOMATIC TRANSFER SWITCH 


SAFETY SWITCH - FUSED. SIZE AND TYPE AS 
INDICATED ON DRAWINGS. 


TRANSFORMER. DRY TYPE. 3 # 
480-208/I20V. KVA AS SHOWN 


CIRCUIT BREAKER. 3 POLE, 600V. MOLDED CASE 
SIZE AS INttCATEO ON DRAWING 


rULL VOLTAGE HON REVERSING, 3 POLE. 600 VOLT. COMBINATION MACNETSC 
MOTOR STARTER WITH CIRCUIT BREAKER DISCONNECT, 


> HOS AT O® Of DESIGNATION MKAIE 
EQUIPMENT ASSOCWED WITH BUS 
TR-t TRANSFORMER SUPPLY BUS #1 


UNINTERRUPTIBLE POWER SUPPLY 

DIGITAL INSTRUMENT PACKAGE - SQUARE "D" 
OR POWER INSTRUMENTS LTD. MODEL 3720. 

'-COMOiST RUN EXPOSED 
CONDUIT RUN IN HUNG CEJ11NC 


2" CONDUfT WITH I-500MCM INSULATED 
GNO WIRE. RUN EXPOSED. 


CLASS 3020 MODEL CM 2250 


CONDUIT & BUSWAY DESIGNATIONS 


EXISTING CONDUfT TO REMAIN 


EXISTING U.OJL. CONDUIT RUN 
TO BE REMOVED 

DOTTED LINE DENOTES POINT AT WHICH 
EXISTING FEEDER IS TO BE REMOVED 
SACK TO EXISTING SWGR. OR EQUIPMENT 


CONDUCT HOMERUN TO PANELBOARO 
AS INDICATED 

CONDUIT TURNING UP 
CONDUIT IxSlMJNO DOWN 
CAP CONDUIT 
FLEXIBLE CONDUIT 

BUSWAY, SIZE AS SHOWN 
BUSWAY END CLOSURE 
EXISTING BUSWAY TO REMAIN 
CONNECT TO COSTING BUSWAY 

EXSTWC BUSWAY TO BE REMOVED 

BUSWAY TRANSITION BOX SEE DETAIL 
DWC #E-10« 


(SR-7) 


B=3 


DESIGNATION UNDERLINED INDICATES 
CONDUIT DESIGNATION. 

DESIGNATION IN PARENTHESIS INOKATES 

EXIST. CONDUIT DESIGNATION TO REMAIN 

-» CONNECT TO EXISTING CONOWT. CHANGE 

— H-<"»-«)- EXIST. DESIGNATION. e.g. EXIST. CONOUTT 
(R-13) BECOMES B=J. 


00 


INDICATES EMPTY CONDUfT 


CQNDUIT RUNS WIHOUT DESIGNATION 

• MINIMUM S12E CONDUIT SHALL BE 3/4*. 

• CROSS HATCH DENOTES NUMBER OF #12 WIRE. 

• NO CROSS HATCH INDICATES 2 #12 & 1 #12 CND. 

• HATCH MARK WITH TAIL INDICATES #12 CND WIRE. 

• E.C. OR J( INDICATES EMPTY CONDUIT. 

FOR DESCRIPTION OF RUSWAY- 

• 4000A, 600V BUSWAY - SEE NOTE |3, DWG. #£-3 

• ^ 460/2777 mKt - ISEE NOTE #.6 

• 4000A. 4fiO/277V TEMPORARY 8USWAYJ DWG. #E-2 
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FLUORESCENT LIGHTING FIXTURE (f X 4') 
FLUORESCENT LIGHTING FIXTURE (2' X 2') 
INCANDESCENT UCHTWG FIXTURE 

COUNG MOUNTED EOT UCHT FIXTURE WITH (T 
RED LETTERS, SINGLE OR DOUBLE FACE AS 
INDICATED BY FILLED W AREA. WITH DWECTIONAl 
ARROWS AS (NOJCATEO. SICN FACE TO BE 
POSmONED AS SHOWN BY CROSS-BAR. 


EXIT UCHT SAME AS ABOVE EXCEPT WALL 
MOUNTED 

EXISTING 4*) FLUORESCENT LIGHTING 


FOR COMPLETE DESCRIPTION AND 
v FEATURES SEE USHTWC FIXTURE 
( SCHEDULE ON DRAWING #E-2 


J 


FIXTURE 


REMAIN 


.M0UHT1NC HEIGHT 48* 
AF.F. TO * OF SWITCH 


© 


m 
< 

j ATS I 


SINGLE POLE TOGGLE SWITCH 20A, 120- 2 77V, 
SURFACE MOUNTED 

THREE WAY TOGGLE SWITCH 20A. I20-277V. 
SURFACE MOUNTED 

FOUR WAY TOGGLE SWITCH 2 OA. 120-277V. 
SURFACE MOUNTED 

SINGLE POLE TOGGLE SWITCH WITH RED PILOT 
UCHT RATED 15A.12CV SURFACE MOUNTED j 

480V, 3P 20A. TWIST LOCK RECEPTACLE. NEMA^l 

LI6-20R SURFACE MOUNTED v MOUNTING HEIGHT 15" 

DUPLEX RECEPTACLE, 125V-15A, NEMA 5-15R. f AFJ * V0 * RECEPTACLE 
SURFACE MOUNTED J 

MOTOR 

EXISTING MOTOR 


J- NUMBER INDICATES HORSEPOWER 


MOTOR LOCK-OUT KEY SWITCH IN CAST DEVICE 
BOX. KEY TO MATCH EXIST. KEYING SYSTEM. 

SOLENOID VALVE - 24V DC-SEE MECHANICAL DWG. FOR DESCRIPTION. 

THERMOSTAT - SEE MECHANICAL DRAWINGS FOR DESCRIPTION 

JUNCTION BOX 

WATTHOUR METER AND PAN 

EXISTING WATTHOUR METER CABINET 

TRANSFORMER - DRY TYPE SIZE AND VOLTAGE AS SHOWN ON 
CONTRACT DRAWINGS 

COMBINATION STARTER WITH CIRCUIT BREAKER OISCONNECT 
TELEPHONE OUTLET 


i AUTOMATIC TRANSFER SWITCH 

[ATS] EXISTING AUTOMATIC TRANSFER SWITCH 

DISTRIBUTION PANEL - 480/277V. 3* SURFACE MOUNTED 
DISTRIBUTION PANEL - 208/I2OV. 3* SURFACE MOUNTED 


SYMBOL 


FIRE ALARM EOUIPMFNT 

ALL FIRE ALARM EQUIPMENT SHALL BE 
CERBRUS PYROTROWCS. NO SUBSTITUTION. 


m c^^^^K^ 00CL |Ma - CS2 UCTAL - SURFACE ~ 

<S> ADDRESSABLE IONIZATION HIGH VELOCITY SMOKE DETECTOR MODEL 
#IO-60tA * BASE #08-35, 

<5> t995gg A %£. ^DOCr SMOKE DETECTOR MODEL #10-6018 WITH 

w HOUSING I0B-X3RS * SAMPLING TUBE f STA 

m EJ-WR ADDRESSABLE INTERFACE MODULE WITH RELAY MOUNTED IN 

1 — ' DOUBLE GANG SWTTCHBOX 

M TR1-60D DUAL ADDRESSABLE INTERFACE SWITCH MODULE MOUNTED 

^ W DOUBLE GANG SWITCHBOX 

|rsj TAMPER SWITCH 

gw| water aow swncH 

f^-y STROBE SPEAKER. MOOEL #SSPK-7070H WITH SPEAKER AND 

BM. ADA STROBE, SURFACE MOUNTED. MOUNTWC HEIGHT 80* 
ABOVE FINISHED FLOOR. 


£1 


JO. 


£2 


13 


® 

EH 


V;" - INDICATES 1PR TW SH #18 AWG W COKXJIT 
*F2" - INDICATES SAME AS ABOVE EXCEPT NOT SHIELDED 
•F3* - INDICATES IPS TW SH #14 AWG H CONOWT 
"F4" - WOCATtS SAME AS ABOVE EXCEPT NOT SHIELDED 
EXISTING MANUAL PULL STATIC N 

EXtSTWC SMOKE DETECTOR 

K_R WOfCATES RELOCATE 
EX1STWC DUCT DETECTOR C « SHOWN ON PLAN 

FIRE ALARM REMOTE ALARM LAMP J 


SPEAKER 70 REMAN 


NOTES 


1 - FOR GENERAL NOTES, ABBREVtATiONS AND UGHTWC FIXTURE 
SCHEDULE SEE DRAWING #E-2. 


REMOVAL. 


L..f..j FLUORESCENT FIXTURE - PENDANT OR CEJUNG MTO. 

ZY.'i.'.l FLUORESCENT FIXTURE - WALL MOUNTED 

•Q INCANDESCENT FIXTURE 

• " m 'f DISCONNECT SWITCH 

* 480V. 3» RECEPTACLE 
DUPLEX RECEPTACLE 

(40) MOTOR - HP SHOWN 

i£ MOTOR LOCK-OUT KEY SWITCH 

M [/"'] MANUAL STARTER 

(j,! JUNCTION BOX 
SWITCH 

•: p SWITCH WITH PILOT UCHT 

— - — EXIST. COT IN FLOOR, REMOVE WIRE 

■„•",' REMOTE ALARM LAMP 

METER 

■*f; THERMOSTAT 

;F; MANUAL PULL STATION 

«S% SMOKE DETECTOR 

«3>> DUCT DETECTOR 

;Hj STROBE HORN 

[}-V SOLENOID VALVE 

■"OhI UNIT HEATER 


1... > 
R - 


TELEPHONE OUTLET 

RADIO TRANSMITTER TO BE RELOCATED 
RELOCATE EXISTING EQUIPMENT 
R 

NOTEj 

XE - INDICATES DEVICE TO BE REMOVED IN STAGE HE 


CARD ACCESS SYSTEM 


m 

EE 
® 

8 


CARO READER. 
EXIT PUSH BAR. 
DOOR POSITION SWITCH 

TAMPER PROOF JUNCTION BOX WITH TERMINAL BLOCK 
CARD READER TO BE RELOCATED 

EXIT PUSH BUTTON TO BE REMOVED - 
BfiiAK GLASS SWITCH TO BE REMOVED 


^ NUMBER W FRONT OF CABLE TYPE 
r INDICATES QUANTITY OF CABLES {L». 
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